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1. 



Fire tower covr-ico^ eliminated. 



2. 



Number of stairs reduced from 6 to 3 ■ (Old plans had 5 stairs 



X 



at 3'-8" and 1 stair at 4*8" for a total population of £90. 
New planshave 2 stairs at 3' -8" and 1 stair at 4' -8" allowing 
a population of 390). 

3. The size of doors leading to the stairs are changed from 3' -8" 
to 3*-0". 

4. All stairs exit through a lobby. Old plans had fire tower 



stair exiting through a fire enclosed corridor-. 



5. 



Shaft walls arc changed from a 3-hour rating to a 2-hour rating. 



6. 



Corridors are limited to a 100' dead end and with a 2-hour 



rating. 



7. 




changed from 20 pounds per square foot to 



6 pounds per square foot (based on partition weight of 50 



pounds to 100 pounds per linear foot). 
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